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ESTABLISHMENT  BY  THE  GOVERNMENT  OF  ALBERTA 
OF  A SEPARATE  DEPARTMENT  OF  LABOUR. 


Recent  Provincial  Government  Departmental  changes 
place  the  responsibility  for  the  administration  of  the  Electri- 
cal Protection  Act,  which  was  formerly  with  the  Department 
of  Industries  and  Labour,  with  the  newly  established  Depart- 
ment of  Labour. 

The  Honourable  Raymond  R.  Reierson  is  the  Minister  of 
the  new  Department  of  Labour.  Mr.  K.  A.  Pugh  has  been 
appointed  Deputy  Minister  of  the  Department. 

This  change  in  the  responsibility  for  the  administration 
of  the  Electrical  Protection  Act  has  not  resulted  in  any 
personnel  changes  in  the  Electrical  Protection  Branch.  Mr. 
S.  A.  B.  Kembry  remains  Superintendent  of  the  Electrical 
and  Gas  Protection  Branch  with  Mr.  G.  W.  Lawson  as  the 
Acting  Chief  Electrical  Inspector. 

ADOPTION  OF  SUPPLEMENT  "R"  CANADIAN 
ELECTRICAL  CODE  PART  I,  SEVENTH  EDITION. 

As  indicated  in  the  April  1959  issue  of  the  Quarterly 
Bulletin,  Supplement  "R",  which  includes  editorial  correc- 
tions to  the  Seventh  Edition  of  the  Code,  and  all  changes 
approved,  to  the  date  of  publication,  by  the  Part  I Commit- 
tee on  the  C.E.  Code  for  inclusion  in  the  next  edition  of  the 
Code  is  expected  to  be  adopted  with  an  effective  date  of 
January  1st,  1960.  This  will  mean  that  installations  com- 
mencing after  this  date  will  be  inspected  on  the  basis  of  the 
Canadian  Electrical  Code  requirements  as  amended  in 
Supplement  "R". 

Since  this  Supplement  contains  revisions  which  will 
necessitate  modifications  to  present  standard  wiring  prac- 
tices, it  is  suggested  that  members  of  the  electrical  indus- 
tries study  this  document  carefully.  For  example,  with  the 
enforcement  of  Rule  R26-104,  the  circuiting  arrangement 
for  utility  receptacles  in  kitchens,  breakfast  rooms,  laundry 
rooms,  etc.  will  have  to  be  altered  considerably  from  those 
now  generally  accepted.  Also,  Rule  R26-106  will  mean  that 
where  convenience  receptacles  constructed  to  accommodate 
parallel  or  tandem  blade  caps  are  installed,  they  must  be  of 
the  three-pole  NEMA  grounding  type. 

In  addition,  the  requirement  of  Section  67  covering  Mobile 
Home  Courts,  Mobile  Homes  and  similar  mobile  units  will 
supersede  the  regulations  now  in  effect. 

ALBERTA  PROVINCIAL  CODE  COMMITTEE  ACTIVITIES. 

The  next  meeting  of  the  Alberta  Provincial  Code  Commit- 
tee is  scheduled  for  Lethbridge  in  the  early  part  of  the  new 
year.  Items  relative  to  specific  Code  Rules,  or  adjustments 
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to  the  Rules  which  it  is  felt  are  desirable  to  keep  abreast 
with  development  of  new  materials  and  methods  for  the  use 
of  electricity,  will  be  discussed  at  this  meeting. 

Persons  associated  with  the  electrical  industry  in  Alberta 
are  reminded  that  items  they  would  like  to  have  discussed  at 
this  meeting  may  be  submitted  directly  to  the  Provincial 
Electrical  Inspection  Branch,  or  the  committee  member  re- 
presenting their  Section  of  the  industry. 

The  present  Provincial  Code  Committee  members  are 
as  follows: 


Name  & Address 


Representing 


G.  W.  Lawson  (Chairman) 
Administration  Bldg. , Edmonton 
C.  R.  Hoar, 

Box  190,  Calgary 
W.  H.  Keyte, 

2808  Macleod  Trail,  Calgary 
G.  W.  Blake, 

1.835-10th  Ave.  W.,  Calgary 
T.  M.  Jacobs, 

520-22nd  Ave.,  N.  E.  Calgary 

G.  R.  Raisbeck, 

10312-105th  St.,  Edmonton 
E.  B.  Allsopp, 

10562-109th  St. , Edmonton 


Alberta  Electrical 
Inspection  Branch. 

Utilities. 

Municipal  Inspection 
Authorities. 

Alberta  Electrical 
Contractors. 
International  Brother- 
hood of  Electrical 
Workers. 

Electrical 

Wholesalers. 

Ass'n.  of  Professional 
Engineers  of  Alberta. 


PROVINCE  OF  ALBERTA  REQUIREMENTS  FOR  THE  CER- 
TIFICATION OF  ELECTRICAL  COMPONENTS  AND  THEIR 
APPLICATION  ON  GAS- FIRED  EQUIPMENT. 


To  be  acceptable  for  use  within  this  Province,  electrical 
components  and  their  assembly  on  gas -fired  devices  must 
meet  certain  requirements.  These  requirements  may  be  met 
in  one  of  three  ways.  For  clarification  the  basic  categories 
into  which  the  acceptable  certification  for  gas-fired  equipment 
may  fall  are  as  follows: 

1.  The  electrical  components  and  assembly  are  certified  and 
listed  by  the  Canadian  Standards  Association. 

2.  The  electrical  components  are  individually  certified  by  the 
Canadian  Standards  Association.  The  assembly  and  applica- 
tion of  the  components  has  been  inspected  and  tested  in  accord- 
ance with  applicable  C.S.A.  requirements  by  the  Canadian  Gas 
Association  Testing  Laboratories. 

3.  If  the  equipment  is  not  certified  and  listed  as  outlined  above 
application  shall  be  made  to  the  Provincial  Electrical  Inspec- 
tion Branch  for  inspection,  test  and  acceptance. 


MINIMUM  CLEARANCES  FROM  GROUND  AND  BUILDINGS 
0-750  VOLTS  TABLES  4 & 1,  ELECTRICAL  PROTECTION  ACT 
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Service  head  location  in 

accordance  with  Rule  6-010 
Canadian  Electrical  Code. 

=c D 


EXCEPTION 


See:  April  1959 
Quarterly  Bulletin 


A?  ' 


Peaked  roofs 


1(8'  required  if  metal 
covered) 


8' 


Flat  roof  building 
/(See  Rule  12-248 
C.E.  C. ) 


Ground  accessible  to 
pedestrians  only 


1A 


Ground  along  thoroughfares  in  rural 
districts  or  across  areas  traversed 
by  agricultural  implements. 


1BL 


Crossing  or  along  thoroughfares  in 
urban  districts  or  crossing  same  in 
rural  districts. 


